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SI3HNOAR0 ^r* SQUARE 
* 2 1/r BACKBOX 
RACO 232 (OAE.) 


1/4* NUT AND BOLT 
(TYPICAL FOR 4) 


t*5?M Wi tt Ttt C 

OR CTPSUM BOARD 
CCSJNO 


2 BAR CUP OR 
CAOOY #66 CUP 
(TYPICAL FOR 4) 


1 t/T BLACK RON 
BAR 24* LONG 
(TYPICAL FOR 2) 



EXISTING Z BAR 
CHICAGO BAR, 
OR CEILING SUPPORT 


for mmm 

HEIGHT, SEE 
NOTE 3 


t I/ST EXTENSION 
RING RACO 202 (OAE.) 


RECESSEO CE1UNG MOUNTED 
ROUND SPEAKER 


ROOK CQUNG. 
3/4* fLEHBLE 

metallic conduit. 

r DEEP SMCLE GANG 
STEEL SWICHKW. 

SOLD GYPSUM 
80ATO WLL 


FOR MOUNIMG 
HEIGHT. SEE 
HO!E 3 


FMSHED FLOOR. 


CONC^ SLAB 

XniimiK OR TO NEXT 

DEVICE OK THE CMCUff. 
MSULATED BU9WG AT EML 


LEMC t STUB UP, 



700 WKMOLOf 

•-FOR STROK/SFEAKER CO^PHOM UHT, 
USE 2 LENGTHS OF 700iWOUK 


S» IMSaOK FOR SPEAKER #R 
SIROK/SPSAKER COMMWWi UNfF. 

SHBB MCKBOX FOR SIROK WfT. 


NOTES; 

1. FOR ABBREVIATIONS, TERMINATION ft CIRCUIT 
LEGEND, GENERAL NOTES AND LEGEND/ 
SPECIFICATION, SEE DWG E-1. 

2. FOR WIRING DIAGRAMS, SEE DWG E-3. 

3. CONTRACTOR SHALL INSTALL THE FIRE ALARM 
DEVICE AT 80T ABOVE FINISHED FLOOR OR 
6T BELOW ROOM CEIUNG, WHICHEVER 
IS LOWER. 

4. RETURN AIR SMOKE DETECTORS SHALL BE 
MOUNTED 8T IN FRONT OF THE RETURN 
AIR GRILL 

5. FOLLOW MAUFACTURER'S RECOMMENDATIONS 
FOR DETECTOR BASE WIRE PENETRATION IN 
ORDER TO PREVENT "DRAFTING? THROUGH BASE. 


HULL 


RNBHED FLOOR. 






NXS. 




NTS. 


UTS, 



FROM PRECEDMG OR TO NEXT 
QEMCE ON THE ORBIT. SLAB 


II^ScW i 2 \jt DEEP St\ 
PULL BOX «/ RB) PMNTtD flUSR 


EXPANSION BOLT. 


r EXISTING SLAB. 


EXPANSION BOLT. 


EXISTING SLAB OR BUILDING STEEL 


FOR mowh©-^ 

HOGKT, SEE 
NOTE 3 
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GSC. 


Dl 
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S8B BACMKDt FOR SPEAKER OR 
STB08E/SPEAKER O0MBNAH0M UWT. 

SHBB 8MCXB0K FOR SIR0BE UMT. 


3/1 r CHANNEL ANGLE 
CONNECTOR, KINDORF CAT 
#J~844 (OAE.). 


1 \{T x 3/4" SLOTTED 
IANNEL KINDORF CAT. 
I-864 (OAEj. 


CABLE BOX CONNECTOR. 


UNIVERSAL MOUNTING BASE 



/- 4" OCTAGONAL 2 1/8T 
^ DEEP STEEL BOX 

RACO CAT #175 (OAE). 


1A, CLAMPED TO CEiUNG 
STRUCTURE (TYPICAL). 


3/1 6T CHANNEL ANGLE 
CONNECTOR, KINDORF CAT. 
lJ-644 (OAE.). 

4* OCTAGONAL 2 1/aT-\ 
DEEP STEEL BOX Nl 
RACO CAT #175 (OAE). 


CABLE BOX CONNECTOR: 



SUSPENDED/GYPSUM 
BOARD CEIUNG. 


MALL 


OPEN AREA SMOKE 
DETECTOR. 


1A, CLAMPED TO CEIUNG 
STRUCTURE (TYPICAL). 


UNIVERSAL MOUNTING BASE 


OPEN AREA SMOKE DETECTOR 


,r-DRILL 3/1 € HOLES 1* DEEP FOR 
CONCRETE INSERTS OR EXPANSION 
SLEEVE AND USE #10 SHEET METAL 
SCREW WITH WASHER. 

EXISTING SLAB. 

3<T FIRST CLAMP. 


1 1/r x 3/4" SLOTTED 

CHANNEL KINDORF CAT. 
#J-864 (OAE.). 


FMSHED FLOOR. 


EXISTING RETURN AIR GRILL- 


EXISTING RETURN AIR DUCT. 




1A IN 3/4" GSC. 

4* OCTAGONAL 2 1/BT 
OPENAREA SMOKE DEEP ST^LBOX ' 
DETECTOR. RACO CAT #175 (OAE). 

UNIVERSAL MOUNTING BASE. 


SUSPENDED 
CEIUNG. 






N.T.S. 


N.T.S. 


N.T.S. 


HIS. 


CONC SLAB 


SMOKE DETECTOR 
WITH BASE. 


us 


- -S. 


V 



SMOKE 

MOUNTED' 


3/4* F.M.C. 10 PULL BOX 

SUPPORTED BY RIGS) STRUCTURE 
FJiC. IS NOT R&QURED V LOCATED 
ABOW SUSPENDED CEUNG. 




DUCT 


KNOCKOUT. 
¥ IOCATED ABOVE SUSPENDED 
CEIUNG, umJZE CABLE BOX 
CONNECTOR. 


W5UUTED 8USHNG 
AT END OF CONDUIT 


CONC. SAB 

WSUUTED BUSWNG-^ 
AT END OF CONDUIT 


CQUNG 


SUSPENDED CQUNG 

2A*IN 3/4" FMC. 
SEE NOTE 2. 


7 


3 1/2T DEEP DOUBLE 
GANG STEEL SWfTCHBOX 
WfTH RED PAINTED 
BLANK SM1CHPLATE. 


f 


SOLD GYPSUM 
BOARD HULL 

FMSHED FLOOR 


EXSTMG TENANT 
ARE MMM fiAHEL 



2A*PLUS 2B IN 
3/4" FMC. 
SEE NOTE 2. 


2B IN 3/4" FMC CONDUIT. 
TERMINATION AT THE TENANT 
FIRE ALARM PANEL SHALL BE 
BY OTHERS. SEE NOTE 2. 

TENANT FIRE ALARM PANEL 
PENETRATION SHALL BE PERFORMED 
IN THE PRESENCE OF ENGINEER. 



FROM PRECEDING OR TO NEXT 
DEVICE ON THE ORCUT. 


tl/li^SoW x 2 1/r DEEP STEEL- 
PULL BOX W/ RED PMNTEC 


COVER. 


2A*tN 3/4* GSC. 
SEE NOTE 2. 


TD 


f*t*{ NEVA 1, RED PAINTED 
ENCLOSURE HOFFMAN CAT. JMN64 
RRH DEMCE MOUNTMG PANEL 
CAT. f^WP (OAE.). 



WALL 



28 IN 3/4" GSC CONDUIT. 
TERMINATION AT THE TENANT 
FIRE ALARM PANEL SHALL BE 
BY OTHERS. SEE NOTE 2. 

TENANT FIRE ALARM PANEL 
PENETRATION SHALL BE PERFORMED 
IN THE PRESENCE OF ENGINEER. 


FMSHED FLOOR 


• - ONLY 1A REQUIRED, IF TD IS END OF UNE DSVKX 


* - ONLY 1A REQUIRED, IF TD IS END OF UNE DEVICE. 


SIDE VIEW 



SIDE VIEW 


FRONT VIEW 




N.T.S. 
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